CLIMA SS, Non Domestic Gas Safety Record 


pe LE. Cert. No.|273 
Safety Inspection and reporting carried out in accordance with the Gas Safety (Installation and Use) Regulations and the Gas Industry Unsafe 
Clima Heating Services Ltd Situations Procedure No detailed internal inspection of flues (integrity, construction and lining) has been carried out. 
‘company / Installe! job Address} ‘ustomer / LandLord 
Engineer Vea Name UoS Accommodation Village Name 
Company Clima Heating Services Ltd Address Crewe E Company 
Address 4 Crewe Hall Address 
Flockton Crescent Sheffield Endcliffe Avenue 
Sheffield South Yorkshire Sheffield 
South Yorkshire PostCode S10 2LL South Yorkshire 
PostCode $13 90R Tel. No 01142224948 PostCode S10 3EA 
Tel No. = Tel. No 01142 224948 
Gas Safe Reg 
ID Card No. 
Appliance Details Inspection Details} 
action ‘oplance Type Moke Medel ‘Fue Type | Landioe’s Applonce inspected | Operating Pressure | Heat apt (kWh) | HighCambustion | Low Combustion Safety devices Ventlaton Visual condition) Fle | Applnce | Appice safe 
sophance ‘mbar ‘Reading Reading corect. | Provision rouse 


‘of fue and Performance | Serviced 
‘operation satisfactory | termination | test 
fate | co [coz ato | co coz 


pom) % 
1| Plant Room Boiler Viessmann Vitodens 300 WB3A__—RS_—Yes Yes 19.8 NA 0.0000 9 9.40.0000 5 9.1, Yes Yes Yes Pass Yes Yes 
2 
3 
4 
5 
6 
efects / Identified Emergency Control Accessible Yes 
Labels and Warning Notice Issued Se eres eater NA 
1 Gas Installation Pipework Visual inspection Satisfactory Yes 
2 Equipotential Bonding NA 
3 
r NEXT INSPECTION DUE ON OR 27-Apr-2023 
BEFORE 
5 
6 
mments} 
Signatures} 
Issued by: Signed Received Signed Date 27-Apr-2022 


by: 


Print Name Print Name || 


